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vmncsmioi^ sot bpoh/bed m official mnsnames isse 

1. Beam md lintel* not plastered frier to painting. 

3. Solae ;yumedl i» steel collate far caatuite. 

% Osarsw la Mbaiw, lintels* end trenches set properly roiie* or Titrated* 

4. Metal trench cavers oo not fit saau&ly and do wet give level surface. 

% Feint scrapped, off sides la n uw e rn m plaeee and sot repaired, (Sactcrior) 

6 . ftoareeeeat tubes edeMat* 

7* StratL-uiien light ”H3le. 

3, Floors net level -orior to tiling. 

9* Ground busses not mb is a true straight line. 

10. file not properly butted in control room {largely due to ualevel floor.) 

11 . Vooa -~aael m which electrical panel* are Mounted la co n t r o l roots badly scarred. 
12* Gray over heed, te mn in control rocaa net neatly fitted. 

13 * TWO' dsMegai. filters la north operating roan* 

lk, poor fabrication of iatercata end t e lep h one panel cov er s in seated roan. 

15* Concrete end excess paint not renewed, froa structural eduaas is control room 

prior b© finel painting. 

Wv Building stensture beat in two place# in xwrth operating men. 

IT* telling pemle *wrfc orxparly fitted in wmsr cnees* 

1$* Glaatoer, rough to iKXae stem. 

19* General lads. of ue® of pipe sleeves. 

§0. CM3 flashing efertos in ecnrerfcoose not flush with well. 

* OeneePeter buss ocemeeted bo that there was 4 inch between S&Ov hues and 
.grousni. (Sfwsaeer will correct). 
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